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Kaiser's ability to continue in business.

this case will not

4.   The York Canyon mine contains six working sections
consisting of two longwall and four continuous miner sections.
The mine is classified as "gassy" and is subject to the specific
methane inspection requirements found in section 103(a)(i) of the
Act (Transcript at 13),

5.   On August 4, 1981, during an inspection of the 7 left
longwall section of the subject mine, Federal Mine Inspector
Daniel Martinez observed the number 2 circuit breaker in the power
center feeding electrical current to the longwall conveyor system
was set at its maximum setting of 4000 amperes <Tr. 22).

6.   Electrical power to operate the machinery and equipment
in various sections of the mine is transmitted through power
centers which act like transformers and reduces the current to an
amount permissible for the operation of the equipment,

7.  The power center cited in this case is a box
approximately eight feet wide by fifteen feet long containing
circuit breakers which are designed as short circuit protection
for the equipment in the mine.  The individual pieces of equipment
in the mine are attached by a cable to a distribution box which in
turn is attached by another cable to the power center.  Both the
distribution box and power center are movable and move along in
conjunction with the mining process.  The distribution boxes are
moved more frequently, possibly two times a week, whereas the
power center may move only once every two months {Tr.  31).

8.  The circuit breaker in the power center cited in this
case was used to protect the supply of electrical power to the
distribution box for the longwall conveyor system.  The cable
between the power center and distribution box was approximately
500 feet long Essex 4/0 3 conductor cable with an outer rubber
jacket encasing three phase wires plus a ground and a ground pilot
conductor (Tr. 32).

Kaiser was cited

1ftn,      . .                           on two prior occasions, July 13 and

1981, for similar violations of standard 75.601-1 as that
contained in citation No. 326835 (Ex-G-3 and G-4) .

23

1953ontinuing violations of the standard
